
PLAN - SUBGRADE, L.FVFI 

ELEVi 274'-0' 


POWER DISTRIBUTION CENTER (PDC> 
8 - CON-ED INCOMING POWER FEEDERS, 


3. REMOVE EXISTING 3 KEY KIRK KEY TRANSFER BLOCK AND 
INSTALL 10 KEY KIRK KEY TRANSFER BLOCK DM INSIDE 
DOOR OF EACH EXISTING 15KV FEEKR BREAKER. 

4. LOCK NUMBERS PROVIDED BY CONTRACTOR. 

5. LOCK NUMBERS TD HATCH KEY NUMBERS OF PORT 
AUTHORITY FURNISHED EQUIPMENT. 

SEE NOTE #3 DWG. «E-3. 

6. KEY TAG ENGRAVINGS FOR PDC BKR HAL FOR 
OTHER PDC BKRS. KEYS SUBSTITUTE BKR »AA 
A3, Bl ETC DESIGNATION IN PLACE OF tAL 
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LOCK POSITION No (SEE DIAG. 'AO 
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KEY No - 

RE 10887 

SEE h 

«TE A 
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IOTE E 

SEE NOTE E 

SEE NOTE 4 

SEE NOTE 4 
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PDC-A2-B 

KEY No - 

RE 10825 
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KEY No - 
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KEY No - 
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KEY No - 

RE 10854 
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KEY No - 
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PDC-A8-B 
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P0C-BI-B 

KEY No - 

RE1C823 





SEE NOTE 4 
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KEY No.- 

RE 10834 
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PPC-B3-B 

KEY NO - 

RE1087I 
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KEY No - 

REI0800 
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PBC-83-B 

KEY No — 

RE 10849 
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REI0979 

RE10979 


PDC-E6-B 

KEY No— 

RE 1085$ 











RE10982 
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RE10982 

RE10982 


pdc-b;-b 

KEY No— 

REI0879 











RE10991 

RE 10991 

REI099I 

REI0991 


PDC-E8-B 
KEY TAG 


KEY No— - 
tORIGINJ — 

RE 10886 : 


i-fi 


_n 







RE10995 

REI0995 

RE10995 

RE10995 


LNWAVING 
(SEE DETAIL'S*) 

: DESTINATIONS- 

PBC-A1-B1 

PDC-A1-B2 

PDC-AI-B3 

*T J ITrtl - U 

PDC-A1-B4 

PDC-A1-B5 

PDC-GtT 

PDC-A1-B7 

PDC-A1-B8 
75NA1-G 

PDC-A1-B9 
4INA1-G 

PDC-A1-BH 
7NA1-G 

SEE NOTE 6 
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75A1-D 


7A1-D 


KEY BLOCK 'ORIGIN* 


BLOCK PDF-A1-B 


DIAGRAM *A' 

BLOCK ARRANGEMENT 
FDR AI SHOWN 
TYPICAL FOR 16 


VESEY STREET 


PLASTIC TAH 

BLACK BACKGROUND 
VHITE LETTERS 


/—KEY No. 


BLOCK Nn'S. 
KEY LOCATION 


KEY-ORIGIN LOCATION <FDR ENERGIZED) 
KEY-DESTINATION LOCATION (FDR GROUNDED) 



DETAIL 'B' 


SHQVN FIK POSITION 8 OF 
TRANSFER Bl 1TCK PPC-A1-B 


! HEREBY CERTIFY THAT THIS IS A Tft!JE AND CORRECT 
COPY OF ONE OF THE CONTRACT O^WiNGS C" 
STITUTING A PART OF CONTRACT NO. ifQ 
IN THE FORM IN WHICH SAID DRAWINGS 
THE TIME THE SAID CONTRACT WAS EXECUTED BY 
THE PARTIES, . 

DATE. 


NGifXlSTEDAT ' w w 



LEV. 'B3' 


i 
i 


ENGINEER Of DESIGN 



LIBERTY STREET 


j* 8 1? IS 

scale in reti 


Title 

TOWER ONE AND TWO 
LOW yOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

KIRK KEY 
INTERLOCKING 
PLAN P.D.C. 


No. Dot* Revision 


App*r»d 


THi deomrtq «ut>j*rt to condKmi m CTrtroct 
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